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Item 9. Disposal of Wastes: All liquid wastes shall go into a public sewer,
or by a method approved by the State Board of Health. All garbage and refuse
shall be placed in suitable receptacles and disposed of properly.
Public Hcalth Reason: The proper disposal of wastes prevents the creation of
a nuisance or a possible public health menace.
Satisfactory Compliancc: This item shall be deemed to have been satisfied if:
1. Liquid waste goes into public sewer or as approved by the State Board
of Health.
2. There is no connection or back siphonage into water supply or sinks.
There shall be no connection from an unsafe supply to a safe water supply.
3. Garbage is stored in tight, approved type, washable receptacles, covered
pending removal.
4. Waste paper metal containers shall be supplied to all classrooms.
5. Ashes shall be placed in only metal containers.
Item 10. Fire Protection: One-story buildings hereafter constructed, shall be
of not less than one-hour fire-resistive construction throughout except that
boiler rooms, heating rooms, and combustible storage rooms shall be of three-
hour fire-resistive construction. Buildings hereafter constructed of more than
one story in height shall be of incombustible uterials. All doors shall be so
hinged as to prevent a fire trap in case of panic Adequate fire escapes and
exits must be provided. There shall be sufficient corridors of adequate width
to allow an unhampered exit. Every school 'ball provide each floor with one
or more fire extinguishers of a type approved by the national board of fire
underwriters, which shall be kept in good working order at all times, with
plain instructions thereon. Fire drills are held at least once a month.
Public Health Reason: Fire protection is necessary to protect lives and prop-
erty.
Satisfactory Compliance: This item shall be deemed to have been satisfied if:
1. One-story buildings hereafter constructed, shall be of not less than one-
hour fire-resistive construction throughout except that boiler rooms, heating
rooms, and combustible storage rooms shall be of three-hour fire-resistive con-
struction. Buildings hereafter constructed of more than one story in height
shall be of incombustible materials.
2. All exit-doo-s from corridors, halls, stairways, auditoriums, assembly
rooms, study halls, libraries, laboratories, workshops, classrooms, toilets, or
other rooms for the accomm6dation of more than five persons shall open out-
wardly and be secured, if at all, against ingress only.
3. Every school building more than one story above the ground shall have
at least two stairways from the top floor to the grounl. No stairway shall serve
more than four classrooms, nor more than two hundred and fifty persons in
study halls, assembly halls, or auditoriums, nor shall the distance from the
door of any such room to the nearest stairway be more than one hundred feet.
4. Every school building of more than one classroom shall have at least
two exits, and in no case shall the distance from the door of a classroom, lab-
oratory, study hall, assemblyroom, or auditorium be more than one hundred


